INSTALL OHO CONNECTOR 





|* 4* cor - 

cot. era. BUSH 

/ !• #1/0 CNO. wwe 

^ REMOVE EXIST 
A.N'0 SSSrAiJL 



EXIST 5* COT. 

— DOST. COT. CNO. 
CONNECTOR 


#1/0 CNO. WIRE 



4 & 5 


TO CNO. STRAP 
ON SPUCE • 


EXIST. T5KV 
SPUCE CABINET 


CONNECT TO EXIST. 
CNO. WIRE 


EXIST. #1/0 CNO. WIRE 


EXIST. 3 #3 CNO. WIRE 


EXIST. COT. CNO. 
CONNECTOR 


SECTION 


■iJ5 & 


EXIST. 5" COT. 


SPUCE CAR1NFT GROUND fttttl NECTlOH nuftflAU 
TYPICAL FOR STEP 2 St £ 
NOT TO SOME 


. STEPS REOUIRFO FOR tmy 
FFFHFR tHSTAIIATIOM 

J_ - 

OE- ENERGIZE FEEDER. 

Z. - 

REMOVE EXIST. ARCPROOFINC. 

a. - 

BREAK EXIST. SPUCES (3) AND 
DISCONNECT GNO. WIRE AS REQ'O. 

a. - 

REMOVE EXIST. CONDUIT & WIRE TO 
1500KVA TRANS'F. SWITCH. 

5™ - 

INSTALL CONDUIT & WIRE TO 
2000KVA TRANS'F. BXR. HV-B. 

£_ - 

RE-MAKE SPUCES (3) ANO CONNECT 
CND WIRING AS SHOWN. (REMOVE 
BARRIER IF REQ'O.) 

2_ - 

MAKE CONNECTIONS AT 20O0KVA. 
TRANS'F. 8KR, HV-0. 

i. - 

INSTALL ARCPROOFINC. 

a_ - 

TEST FEEDER AND RE-ENERGIZE. 


4" COT. TO SWCR. 


3-1/C 350MCM. 15KV. 
A 1 #1/0 CNO. (CU.) 


#1/0 GNO. WIRE, SEE 
SPUCE CABINET GNO. 
CONNECTION DIAGRAM 


"V* SPUCE - (3) 


['SCREW COVER 

J CABLE TERMINATOR 
j ARMOR CABLE SUPPORT 
[cROUND CLAMP 

-EXIST. 



EXIST. 5* COT., 
I-3/C - 250MCU 
15KV ARMORED 
RtSER CABLE 


GROUND CLAMP ] 
ARMOR CABLE SUPPORT I ^ 

CABLE TERMINATOR J 


REMOVE EXIST, it 
INSTALL CABLE SUPPORT 


REMOVABLE 
BARRIERS 


EXIST. 3-1/C^ 
250MCM tSKV.V 
CABLE (AL.) J 


EXIST. 3-1/C 
500MCM 15KV. 
CABLE (CU.) 


EXIST. S* COT., 
1-3/C - 500MCM 
15KV ARMORED 
RtSER CABLE 


Z & S COVER REMOVEO 



EXISTING 15KV. 
(AL) RISER CABLE 
TO SUBSTATION 
ISS-75S 

EXISTING 5" E.C. 


EXIST. !5KV. 
SPUCE CABINET 


COVER ON 


SCREW COVER 


NOTE: PF-A5, A6, & A7 ARE TYPICAL 


• A J 

splice (mm. 

FRONT ElfYATlOH 


<lat FL 


EXISTING S" E.C. 


EXISTING 15KV. (CU.) 
RISER CABLE FROM 
SUBSTATION SS-7S 


DET/JL "A" 


15KV. SPUCE CABINET 

0 l 2 j < S 
SCALE IN FEE I 


EXISTING 3/C 250MCM 15KV 
ARMORED RISER CABLE (AL) 
TO SUBSTATION #SS-75S ™~ 


SEE NOTE #3 


SEE SI AGE n 
DWG #£-5 


SEE STAGE m 
OWC fZ-6 


pr 

-A7B 

PF 

-ABB 

PF- 

-A5B 

pr- 

-A6B 


STEP® * ©- 


a ® & © 



i HEREBY CERTIFY THAT THIS IS A TRUE AND CORRECT 
. COPY OF ONE OF THE CONTRACT DRAWINGS .CON- „ , 

5TITUTING A PART OF CONTRACT JtfTC-&0Z-0l/ 

IN THE FOSM IN WHICH SAID DRAWINGS EXISTED AT 
.THE TIME THE SAJD CONTRACT WAS EXECUTED BY 

THE PARTIES. 


DATE 


1 i * / „ v. SPEC .WRITES 


S- E.C. 


DATE. 


ENGINEER Of DESIGN. 



SiiiilSlSS 


INSTAiL 1SKV. fpr-s, 

SEE CONDUIT & CABLE 
SCHEDULE DWG. #E-27 



PF-AJ5B-TFMP 
TO EXIST. TR-5 


■P.B. 


/•PF-A7B 


I— PF-A7B-TFMP 
TO EXIST. TR-7 



PF-AS8-TFMP 
TO EXIST. TR-6 


PF-A7B 


EXISTP*G I5KV. SPUCE CA8WE7 
SEE OETAIL 'A* This DWG. — — 


SEE OWC. tC-X> ~\ ... n 
COT, u-rour J n - 


t I 

rr 


i 

■H- 


V 


V 


J I 
- I \ 

r 


^-REMOTE 4" C 3 - 1/C 350MCM 15KV. 
/ £>.!'' ?1 D ' {CU) TO EXIST. 1500KVA 
/ TRANSF PfflUARY DISC. SW. 


I 


SW1TCHGEAR 
CONTROL POWER 
SEE DWG. #E-29 


V 


5" E.C. 


EMSTLfC 3/C SOOUCM 15KV 
* 3 #3 CNO (CU) ARMOR 
WSER CABLE FROM 
SUBSTATION #SS-7S — 



EXISTING 40O0A COLLECTOR 
BUS AT OLD SwrrCHGEAR 
SEE SECTION D-D DWG #E-28 


-JffiL 4000A 480/277V TEMP. BUSWAY 
INSTALL - STEP®,© STAGE H DWG #E-5 
REMOVE - STEP (p STAGE HI DWG #E-6 



PF-ASR-TFUP 
TO EXIST. TR-8 


I r PF-A*R 


I 


TO SWCR. 
-SEE DWG 
#E-29 



Title 


TOWER ONE AND TWO 
LOW VOLTAGE 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION 

ELECTRICAL 

SUBSTATION SS-41S 
STAGE H AND HE 
SWITCHGEAR EQUIPMENT 
RISER DIAGRAM 


..RISER MftBRftM, 

1HW. FEEDER & SWCR. 8US"«AV 
NOT TO SCALE 


STEP ©STAGE HZ 
SEE OWC #£~6 


-SEE NOTE #3 


No. Dot* Rnisien 


Appf8V»d 


AB *r**rbon». »d»of, ^ mtihoda 

fM * ry * i to Port Authority and 


LEAHY/ 
FSOCR 


LEAHY 


0**r*6 by Dram by 
Dot* 5-1-iS 


ii 


Ctwdc«d by 


CorAroct ftambb- 

WTC 802.071 


Seal. AS NOTED 
Ore*** Nucnbw 

E-25 


